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FORBWORB 

This Indian Standard was adopted by the Bureau of Indian Standards, after the draft finalized by the 
Pig Iron and Cast Iron Sectional Committee had been approved by the Metallurgical Engineering 
Division Council. 

This standard has been prepared with a view to guide the industries with regard to dimensional require- 
ment for rubber sealing rings for use in CID Joints suitable for light duty AC Pipes. 

This standard covers sizes up to 200 mm nominal diameter for Class 5 and 10* 

For the purpose of deciding whether a particular requirement of this standard is complied with, the 
final value, observe or calculated, expressing the result of a test or analysis, shall be rounded off in 
accordance with IS 2 : 1960*RuIes iFor rounding ofiF numerical values { revised )\ The number of 
significant places retained in the rounded off value should be the same as that of the specified value in 
this standard. 
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1 SCOPE 

1.1 This standard specifies the dimensional require- 
ment for rubber sealing rings to be used with cast 
iron detachable joints conforming to IS 12987 : 
1990 for joining light duty asbestos cement pressure 
pipes conforming to IS 9627 : 1980. 

1.2 This standard covers the dimensions of rubber 
sealing rings having circular cross section only 
up to 200 mm nominal diameter, for class 5 and 
10. 

2 REFERENCE 

2.1 The following Indian Standards have been 
referred to in this standard: 



Table 1 Dimensions of Rubber Sealing Rings for 
Light Duty AC Pipes 

( Clauses 4.1 and 4.2 ) 



IS No. 

5382 : 1985 



9627: 1980 



Title 

Rubber sealing rings for gas 
mains, water mains and sewers 
{first revision ) 

Asbestos cement pressure pipes 
( light duty ) 

3 GENERAL 

3.1 Unless otherwise stated requirement of rubber 
sealing rings including sampling criteria as specified 
in IS 5382 : 1985 shall be complied with. 

3.2 The rubber sealing rings shall conform to Type 

3 of IS 5382: 1985. 

4 DIMENSIONS AND TOLERANCES 

4.1 The inner diameter and cross-sectional dia- 
meter of rubber sealing rings of various sizes and 
classes of CID Joints shall be in accordance with 
Table 1. 

4.2 Tolerances 

A tolerance of _ q.q ^^ shall be allowed on 

cross sectional diameter *<I>X' and ± 1 percent on 
inner dia '^ Y' specified in Table L 




Nominal Dia 


Class 


Inner Dia 


Cross 


Number 


of Pipe & 




'^Y' 


Sectional 


Per 


Joint 






Dia, '<k X' 


Set 


mm 




mm 


mm 




50 


5 and 10 


60 


10 


2 


80 


5 and 10 


90 


14 


2 


100 


5 and 10 


109 


14 


2 . 


125 


5 and 10 


131 


14 


2 


150 


5 and 10 


155 


14 


2 


200 


Sand 10 


201 


14 


2 



Standard Mark 

The use of the Standard Mark is governed by the provisions of the Bureau of Indian 
Standards Act, 1986 and the Rules and Regulations made thereunder. The Standard Mark on 
products covered by an Indian Standard conveys the assurance that they have been produced 
to comply with the requirements of that standard under a well defined system of inspection, 
testing and quality control which is devised and supervised by BIS and operated by the 
producer. Standard marked products are also continuously checked by BIS for conformity 
to that standard as a further safeguard. Details of conditions under which a licence for the 
use of the Standard Mark may be granted to manufacturers or producers may be obtained 
from the Bureau of Indian Standards. 



Bureau of Indian Standards 

BIS is a statutory institution established under the Bureau of Indian Standards Act, 1986 to promote 
harmonious development of the activities of standardization, marking and quality certification of goods 
and attending to connected matters in the country. 

Copyright 

BIS has the copyright of all its publications. No part of these publications may be reproduced in 
any form without the prior permission in writing of BIS. This does not preclude the free use, in the 
course of implementing the standard, of necessary details, such as symbols and sizes, type or grade 
designations. Enquiries relating to copyright be addressed to the Director ( Publications ), BIS. 

Revision of Indian Standards 

Indian Standards are reviewed periodically and revised, when necessary and amendments, if any, are 
issued from time to time. Users of Indian Standards should ascertain that they are in possession of 
the latest amendments or edition. Comments on this Indian Standard may be sent to BIS giving the 
following reference; 
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